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(b) During each period of twelve months after these rules take effect,
until all meters now in service shall have been tested, each utility shall
. remove approximately twenty per cent. of all meters now in service, those
longest in service being removed first. Such meetrs shall not be replaced
in service until tested and made to comply with the other provisions of
these rules. (Filed, secretary state's office-August 4, 1937.)
Rule 21. Meter Testing on Request of Consumers. (a) Each utility
shall, at any time when requested in writing by a consumer upon reason-
able notice, test the accuracy of the meter in use by him.
No deposit or payment shall be required from the consumer for such
meter test except when a consumer requests a meter test within six (6)
months after date of the installation or of the last previous test of this
meter, in which case he shall be required by the utility to deposit with it,
to cover the reasonable cost of such test, an amount not to exceed the
following:
For each standard type gas service meter-
Not exceeding 10 light capacity.................................$ 1.00
Exceeding 10 lights but not exceeding 45 lights capacity............ 2.00
Exceeding 45 lights capacity.................................... 4.00
For any meter rated other than by lights capacity, including increased
capacity meters commonly called "A" and "B" meters, the deposit shall
be the same amount as is required for a meter of corresponding size rated
by its lights capacity.
The amount so deposited with the utility shall be refunded or credited
to the consumer, as a part of the settlement of the disputed account if
the meter is found, when tested, to register more than three per cent.
fast; otherwise the deposit shall be retained by the utility.
(b) A consumer may be present when the utility conducts the test on
his meter, or if he desires, may send an expert or other representative ap-
pointed by him.
(c) A report giving the name of the consumer requesting the test, the
date of the request, the location of the premises where the meter has been
installed, the type, make, size, and serial number of the meter, the date of
removal, the date tested, and the result of the test, shall be supplied to
such consumer within a reasonable time after the completion of the test.
(Filed, secretary state's office-August 4, 1937.)
Rule 22. Adjustment of Bills for Meter Error. (a) Fast Meters. If
on test of any gas service meter made by the Commission, as may be
later authorized, or the utility under Rules 20 and 21, whether at the re-
quest of a consumer or not, it be found more than three per cent. fast,
the utility shall refund to the consumer such percentage of the amount of
his bills for the period of sixty days just previous to the removal of such
meter from service-or for the time the meter was in service, not exceed-
ing sixty days-as the meter shall have been shown to be in error by
such test in excess of three per cent. Provided, however, that if the error
was due to some cause, the date of which can be fixed, and which date is


